INSTALL CNO. CONNECTOR 



■ EXIST 5* COT. 


EXIST, COT. GNO. 
CONNECTOR 



A & 5 


^-#1/0 GNO. WIRE 
TO GND. BUS 


CONNECT TO EXIST. 
GND. WIRE 


EXfST. #1/0 GND. WIRE 


SECTION n-o 


■2& *&< 


EXtST. COT. GND. 
CONNECTOR 


EXIST. 5" CDT. 


SFUCE CABINET GROUND CONNECTION MARRAM 

TYPICAL FOR STEP J & £ 
NOT TO SCALE 


STEPS REOUIRFD FOR 

FEEDER INSTAUATfON 

i_ - 

DE-ENERGIZE FEEDER. 

2_ - 

REMOVE EXIST. ARCPR0OF1NG. 

£. - 

BREAK EXtST. SPLICES (3) AND 
DISCONNECT GND. WliiE AS REQ'O. 

±. - 

REMOVE EXtST. CONDUIT & WIRE TO 
1500KVA TRANS' F. SWITCH. 

£. - 

INSTALL CONDUIT & WIRE TO 
2000KVA TRANST. 8KR. HV-B. 

i_ - 

RE-MAKE SPUCES (3) AND CONNECT 
GND WIRING AS SHOWN. (REMOVE 
BARRIER IF REQ'D.) 

2_ - 

MAKE CONNECTIONS AT 2000KVA. 
TRANS'F. BKR. HV-B. 

S_ - 

INSTALL ARCPR0CF1NG. 

3_ - 

TEST FEEDER AND RE-ENERGIZE. 


+" COT. TO SWGR. 


3-1/C 350UCM. 15KV. 
& 1 #1/0 GNO. (CU.) 


(I/O CNO. WIRE, SEE 
PUCE CABINET GNO. 
CONNECTION DIAGRAM 


"V SPUCE - (3) 


f SCREW COVER 

J CABLE TERMINATOR 
| ARMOR CABLE SUPPORT 
^GROUND CLAMP 

' — EXIST. 



EXTST. 5" COT., 
1-3/C - 250MCM 
15KV ARMOREO 
RISER CABLE 


GROUND CLAMP | 
ARMOR CABLE SUPPORT L |rxJ ST _ 

CABLE TERMINATOR J 


REMOVE EXIST. & 
INSTALL CABLE SUPPORT 


EXIST. Z~\/C\ 
250MCM 15KV. >Z & S 
CABLE (AL) J 


EXiST. 5* COT., 
1-3/C - 250MCM 
15KV ARMORED 
RISER CABLE 



EXISTING 15KV. 
(AL) RISER CABLE 
TO SUBSTATION 
#SS-105S 

EXISfiNC 5" E.C. 


EXIST. 15KV. 
SPUCE CABINET 


COVER ON 


NOTES 

1. - FOR LEGENC SEE DWG. E-l, FOR 

GENERAL NOTES. ABBREVIATIONS 
AND UCHTWC FIXTURE SCHEDULE 
SEE DWG. E-2. 

2. - FOR CONSTRUCTION STAGING SEE 

DWG. #CS-1. 

5 - TO* WORK PREFORMED ON SUBSTATION 
SS-75S IN STAGE H & Ht SEE THE 
FOLLOWING DRAWINGS: 


DWG #E-5 ~ TYPICAL SUBSTATION 
DWG |E-60 - LOAD TRANSFER 

. STAGE m OMY 

DWG #E-5 - TYPICAL SUBSTATION 

OWG #E-60 & 61 - LOAD TRANSFER 

COUaNEO STAGE TT * TIT 


OWG 
OWG 
DWG 
DWG 
OWG 
DWG 
DWG 


-53 
IE-54 
E-55 
E-56 
E-57 
E-58 
:-59 


STAffg XI & _ 
(THIS DWG) SWCR. EQUIP. 
- 460V ONE UNE DIAGRAM 
COT. & CABLE SCKED. 
SWGR. EQUIP. PLAN 
75lh FL CTRL COT 
75th Ft CDT LAYOUT 
76th FL CDT LAYOUT 


SCREW COVER 


75th FL 


EXISTING 5" E.C. 


SECTION A— A 
NOTE: PF-A5, A6. & A7 ARE TYPICAL 


SPUCE CABINET 

FRONT ELEVATION 


EXISTING 15KV. (AL) 
RISER CABLE FROM 
SUBSTATION #SS-41S 


DETAIL "A" 


15KV. SPUCE CABINET 

0 12 3 4 5 
SCALE IN FEET 


she* 139 w. 224 



nmrnntammmmr 



EXISTING 3/C 250MCM 15KV 
ARMORED RISER CABLE (AL) 
TO SUBSTATION #SS-108S 


SEE NOTE #3 


SEE STAGE IE 
OWG #E-5 


SEE STAGE TU 
DWC #E- 6 
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I 


Title 


TOWER ONE AND TWO 
LOW VOLTAGE 
SUBSTATIONS 
CONSTRUCTION AND 
INSTALLATION 

ELECTRICAL 

SUBSTATION SS-75S 
STAGE H AND HE 
SWITCHGEAR EQUIPMENT 
RISER DIAGRAM 


EXISTING I5KV. SPUCE CABINET 
SEE DETAIL "A" THIS DWC. 


Oota Revision, 


Approved 


Thd *wrinq subject to consigns fa contract . 
AH irareotioo&, W«0», ihttym oni method* 
hereto ore reserved to Port Authority ond 
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